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PHASE PLAN - AREA LEGEND: 



PHASE I : PARTIAL OCCUPANCY. ANTICIPATE UNOCCUPIED OFFICES FOR A DURATION OF 2 WEEKS, TO BE COORDINATED WITH THE OWNER. DURING 
WHICH INVASIVE CONSTRUCTION/DEMOLITION MAY OCCUR. OTHERWISE ALL WORK MUST ACCOMODATE OCCUPANCY, BE SEPARATELY SCHEDULED 
OR OCCUR OUTSIDE OF BUSINESS HOURS (9AM-5PM). CORRIDORS SHALL REMAIN OPEN AND PASSABLE FOR THE ENTIRE DURATION OF THE 
PROJECT UNLESS COORDINATED WITH THE OWNER, FIRE DEPARTMENT AND INSPECTIONAL SERVICES. 


PHASE 2 : NO ACCESS RESTRICTIONS. 

PHASE 3: RESTRICTED ACCESS. MAINTAIN EGRESS AT ALL TIMES. 


PHASING: SPECIFIC AREAS OF THE GTH FLOOR WILL BE SUBJECT TO SCHEDULING CONSTRAINTS: THE GENERAL CONTRACTOR WILL PROVIDE A 
SCHEDULE OF PROPOSED WORK TO ACCOMMODATE PARTIAL OCCUPANCY IN AREAS NOTED ABOVE. ORDER OF PHASING TO BE DETERMINED BY THE 
GC AND APPROVED AND COORDINATED WITH THE OWNER PRIOR TO THE START OF WORK. 



LOADING DOCKWITH RAMP 
ACCESS TO PASSENGER 
ELEVATOR. ACCESS TO BE 
COORDINATED WITH OWNER 


SMALL CONTRACTOR 
TRAILER (CUBE TRUCK) 


CONTRACTOR ENTRY 


APPROX. LOCATION 
OF WORK AREAS 



STAGING/LOGISTICS PLAN 

SCALE: 1:180 




LEGEND: 

EXISTING WALL: I 

NEW WALL: ; 

2 HOUR WALL 
(PER 1976 
CONST. DOC.) 

RECONFIGURED - 
AREA 

OFFICE AREA 



CONCEPT SITE/BLDG SECTION 

NTS 


OCCUPANCY COUNTS 

SUITE/ROOM 

5F 

OCCUPANCY 

TYPE 

SF/PERSON 

OCCUPANTS 

REQUIRED 

EXITS 

SPECIAL EDUCATION OFFICE 

1 922 

B 

1 00 SF/P 

20 

1 

CONFERENCE ROOM 

2<35 

B - CONF. 

1 5 SF/P 

20 


SCHOOL COMMITTEE ROOM 

15 12 

B - CONF. 

1 5 SF/P 

101 

2 

STAFF LOUNGE 

437 

B - CONF. 

1 5 SF/P 

30 


OFFICE 

1 306 

B 

1 00 SF/P 

14 

1 

PAYROLL 

93G 

B - CONF. 

1 00 SF/P 

10 


BUSINESS OFFICE 

15 12 

B 

1 00 SF/P 

1 G 

1 

SUPERINTENDENT RECEPTION 

G30 

B 

1 00 SF/P 

7 


SUPERINTENDENT 

560 

B - CONF. 

1 5 SF/P 

20 



BUILDING SUMMARY 

PROJECT DESCRIPTION: LEVEL 2 ALTERATIONS: HVAC SYSTEM 
REPLACEMENT + RECONFIGURATION OF 4, 1 22 SF 

BUILDING CODE: 

760 CMR, 6TH EDITION 

CONSTRUCTION TYPE: 

5, SPRINRLERED 

OCCUPANCY GROUP: 

B, ACCESSORY TO E 

GROSS SQUARE FEET: 

1 4,49G SQ. FT. 

TOTAL OCCUPANTS: 

236 

TOTAL EGRESS CAPACITY: 

1 440 

TYPICAL STAIR WIDTH: 

4^ 

1 

O 

TYPICAL STAIR DOOR WIDTH: 

G'-O" 

TYPICAL DOOR WIDTH: 

3'-0" 
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GENERAL NOTES-DEMO: 


I . REFER TO SPEC. SECTION 003 I OO-PROJECT INFORMATION, 
020600-ASBESTOS ABATEMENT, 020820-MI5CELLANEOUS 
HAZARDOUS MATERIALS REMOVAL FOR HAZARDOUS MATERIAL 
HANDLING REQUIREMENTS. 

2. ALL DEMOLITION THAT DISTURBS HAZARDOUS MATERIAL MUST BE 
PERFORMED UNDER CONTAINMENT. 

3. PROTECT OWNERS FIXED EQUIPMENT LEFT IN PLACE DURING DEMOLITION. 

4. SEE MEP/FP DRAWINGS FOR ADDITIONAL DEMO SCOPE. 


DEMO KEY NOTES: 


YJ7 the CONTRACTOR SHALL REMOVE ALL CARPET AND ASSOCIATED 
V ADHESIVE WITHIN FULL CONTAINMENT WITH NEGATIVE AIR FILTRATION (AS 
AN ENGINEERING CONTROL). CARPET MAY BE DISPOSED OF AS GENERAL 
CONSTRUCTION WASTE IF NO DISTURBANCE IS MADE TO UNDERLYING 
ASBESTOS - CONTAINING FLOOR TILE. 

THE HAZARDOUS MATERIALS ABATEMENT CONTRACTOR SHALL REMOVE 
\/ AND DISPOSE OF ALL LOOSE/DAMAGED VINYL ASBESTOS FLOOR TILE 
RESULTING FROM CARPET REMOVAL (WITHIN FULL CONTAINMENT) TO 
ESTABLISH SOUND BASE FOR NEW CARPET. 

THE HAZARDOUS MATERIALS ABATEMENT CONTRACTOR SHALL REMOVE 
\/ AND DISPOSE OF ALL LOOSE/DAMAGED VINYL ASBESTOS FLOOR TILE 
RESULTING FROM WALL REMOVAL (WITHIN FULL CONTAINMENT) TO 
ESTABLISH SOUND BASE FOR NEW CARPET. 

THE HAZARDOUS MATERIALS ABATEMENT CONTRACTOR SHALL REMOVE 
\y AND DISPOSE OF TOP LAYER VINYL ASBESTOS FLOOR TILE ONLY LEAVING 
MASTIC ADHESIVE (WITHIN FULL CONTAINMENT) TO EXISTING 
UNDERLAYMENT TO ACCOMMODATE NEW WALLS. 

_ THE HAZARDOUS MATERIALS ABATEMENT CONTRACTOR SHALL REMOVE 

W AND DISPOSE OF 4 SF OF ALL FLOORING LAYERS (TO EXISTING 

SUBFLOOR) TO FACILITATE CORE DRILLING ON ALL FLOORS. REMOVAL 
SHALL OCCUR WITHIN (6) MINI-ENCLOSURE CONTAINMENTS WHERE 
NOTED FOR NEW ELECTRICAL CONDUIT EXTENDING FROM GTH FLOOR TO 
BASEMENT. 


GENERAL KEY NOTES: 


WHILE UNDER CONTAINMENT GC TO PATCH FLOORING WITH NEW 
V RESILIENT FLOORING TO ESTABLISH ENCAPSULATION AND A SOUND 
BASE FOR NEW CARPET.. 



ALTERNATES 

ALTERNATE I : DEDUCTION OF WORR. ELIMINATE WORR ASSOCIATED WITH 
CREATING ROOMS G03C AND G03C FROM PROJECT. REFER TO ALTERNATE 
FLOOR PLAN FOR EXTENT OF REDUCED WORR. ELIMINATE ALL SPRINRLER 
UPGRADES. 


DEMO LEGEND: 

EXISTING WALL: I i 
DEMO WALL: cz z=i 

DEMO DOOR r= ^ 
AND FRAME: \ 


ALTERNATE 2 : DEDUCTION OF WORR. ELIMINATE NEW ROOF TOP UNIT AND 
MODIFY ASSOCIATED WORR. REFER TO ALTERNATE ROOF PLAN FOR EXTENT OF 
REDUCED SCOPE. 


DEMO 

FLOORING: 


////. 
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TITLE: 


EXISTING/DEMO 
REFLECTED 
CEILING PLAN 


JOB NUMBER: 

12-15 


DRAWN BY: 

MED 


CHECKED BY: 

PJT 


DATE: 

March 27, 2013 


SCALE: 


ALTERNATES 

ALTERNATE 1 : DEDUCTION OF WORK. ELIMINATE WORK ASSOCIATED WITH 
CREATING ROOMS GO&C AND G09C FROM PROJECT. REFER TO ALTERNATE 
FLOOR PLAN FOR EXTENT OF REDUCED WORK.. ELIMINATE ALL SPRINKLER 
UPGRADES. 


GENERAL NOTES - RCP DEMO: 

I . EXISTING CEILING JOISTS I 6" O.C., TYP. 

2. ELECTRICAL TO REUSE EXISTING PENDANT LOCATIONS TO GREATEST EXTENT 
POSSIBLE. 

3. COVER PLATES TO BE INSTALLED AT UNUSED EXISTING PENDANT LOCATIONS 

4. PROTECT EXISTING EQUIPMENT TO REMAIN IN AREAS TO RECEIVE PAINT. 


DEMO RCP KEYNOTES 

W REMOVE EXISTING LIGHT FIXTURES. 
SEE ELECTRICAL. 

W REMOVE SPRINKLER. 

SEE FIRE PROTECTION. 


DEMO LEGEND: 

PENDANT LIGHT FIXTURES; E = = ID 
SPRINKLER LINES: •- 

DEMO SPRINKLER LINES; .- 

DEMO WALL; vzz/zzz/zm 


AS NOTED 


SHEET NO: 


ADI.2 


ALTERNATE 2 ; DEDUCTION OF WORK. ELIMINATE NEW ROOF TOP UNIT AND 
MODIFY ASSOCIATED WORK. REFER TO ALTERNATE ROOF PLAN FOR EXTENT OF 
REDUCED SCOPE. 


EXISTING MECH; 
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OPEN 
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OFFICE 
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\ 




COORDINATOR 


GENERAL 
OFFICE/SPECIAL 
NEEDS 


OFFICE 


9' 3'-4" 

o7^ 


^—^NEW WALL MNTD 
//_/) CABINETS 
^ r BY OWNER 


OPEN 

OFFICE 
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OFFICE 
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ELEVATOR 
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DIRECTOR 


l> 3A 


RECEPTION 


DIRECTOR 


l> 3A 


RECEPTION 


WAITING 


CORRIDOR 


SUPERINTENDENT 

RECEPTION 


EXISTING 
EXTERIOR WALL 


-NEW WALL- 


CONFERENCE 

ROOM 


NEW CABINETS- 
BY OWNER 


CORRIDOR 


2 I1/ 2 ' 


■WALL MOUNTED SHELF 
AND CLOSET POLE 
BY OWNER 


6TH FLOOR PROPOSED PLAN - ALTERNATE #1 

1/8" = l'-O" 


FILL CAVITY WITH 
FIBERGLASS 
ISULATION PROVIDE 
METAL EDGE COVER 
TRIM 

EXISTING FIN TUBE 


? A FIN TUBE SOUND PROOFING DETAIL 

3 J ~ 2 / 2 " = 00 " 


EXISTING 
EXTERIOR WALL 


-FILL CAVITY WITH 
FIBERGLASS 
ISULATION PROVIDE 
METAL EDGE COVER 
TRIM 


NEW WALL 


EXISTING FIN TUBE 


/ FIN TUBE SOUND PROOFING DETAIL 

z j 1 = 1 ._ 0 „ 1 


CONFERENCE 

ROOM 


NEW CABINETS- 
BY OWNER 


2 Ii/o' 


STAIR 


SCHOOL COMMITTEE 
ROOM 


CORRIDOR 


-WALL MOUNTED SHELF 
AND CLOSET POLE 
BY OWNER 


STAIR 


-PATCH WALL WHERE 

CLOCK IS REMOVED, TYP. 


CORRIDOR 


NEW CABINETS- 
BY OWNER 


COPY ROOM 


FINISH EDGE OF^ 
EXIST CABINET X 
AND COUNTER W/ 
PNTD WOOD nr 


CONFERENCE 


GRANTS 


OFFICE 


PAYROLL 


EQ 4'-0" EQ 


BUSINESS/ 

PURCHASING 


STAFF LOUNGE L 


ASSISTANT 

SUPERINTENDENT 


ADMIN. 

ASST. 


RECEPTION 


HUMAN 

RESOURCES 

DIRECTOR 



CFO'S OFFICE 


6TH FLOOR PROPOSED PLAN - BASE BID 

1/8" = l'-0" 


0 2 4 a 



CALLED 


ALTERNATES 

ALTERNATE I : DEDUCTION OF WORM ELIMINATE WORK ASSOCIATED WITH 
CREATING ROOMS 605C AND 609C FROM PROJECT. REFER TO ALTERNATE 
FLOOR PLAN FOR EXTENT OF REDUCED WORM ELIMINATE ALL SPRINKLER 
UPGRADES. 

ALTERNATE 2 : DEDUCTION OF WORM ELIMINATE NEW ROOF TOP UNIT AND 
MODIFY ASSOCIATED WORK. REFER TO ALTERNATE ROOF PLAN FOR EXTENT OF 
REDUCED SCOPE. 


GENERAL NOTES: _ 

I . GC PROVIDE BLOCKING FOR OWNER FURNISHED AND 
INSTALLED WORK 

2. PROTECT OWNERS FIXED EQUIPMENT LEFT IN PLACE 

3. SEE SHEET A I .4 FOR WALL TYPES 


KEY NOTES: _ 

/j\ PATCH GYP BD WALL, WHERE 
EXIST WALL WAS REMOVED, 
TO MATCH EXISTING 


WALL LEGEND: 

EXISTING WALL: H 
NEW WALL: cz 

2 HOUR WALL — 


98 


ce o 


o - 1 - 

O O 

9 & 


u - 

51 o 

< O 


\— 

LD H oo < 


PROPOSED 
FLOOR PLAN 


JOB NUMBER: 

12-15 


DRAWN BY: 

MED 


CHECKED BY: 

PJT 


March 27, 2013 


SCALE: 

AS NOTED 


Al.l 






















SOFFIT DETAIL 

11/2" = l'-O" 


ALTERNATES 

ALTERNATE I : DEDUCTION OF WORK. ELIMINATE WORK ASSOCIATED WITH 
CREATING ROOMS GO&C AND 609C FROM PROJECT. REFER TO ALTERNATE 
FLOOR PLAN FOR EXTENT OF REDUCED WORK. ELIMINATE ALL SPRINKLER 
UPGRADES. 

ALTERNATE 2 . DEDUCTION OF WORK. ELIMINATE NEW ROOF TOP UNIT AND 
MODIFY ASSOCIATED WORK. REFER TO ALTERNATE ROOF PLAN FOR EXTENT OF 
REDUCED SCOPE. 
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TITLE: 


PROPOSED 
REFLECTED 
CEILING PLAN 


JOB NUMBER: 

12-15 

DRAWN BY: 

MED 

CHECKED BY: 

PJT 


CALLED 


DATE: 


KEY NOTES 


LEGEND: 


GENERAL NOTES : 



NEW LIGHT FIXTURES REFER TO ELEC DWGS 


PENDANT LIGHT FIXTURES: m = =3 


<(2} EXISTING LIGHT FIXTURES 

PATCH GYP BD CEILING TO MATCH EXISTING; 
V WHERE WALL WAS REMOVED. 


2x2 RECESSED LIGHT 
FIXTURES WITH 2x2 
SUSPENDED ACOUSTIC 
CEILING: 

EXIT SIGN; 


<(4} NEW SPRINKLER REFER TO MECH DWGS 


SPRINKLER LINES; 


PROTECT EXISTING EQUIPMENT TO REMAIN IN AREAS TO RECEIVE PAINT. 


March 27, 2013 


SCALE: 

AS NOTED 


SHEET NO: 

A1.2 


5> NEW MECH 


EXISTING MECH; 
NEW MECH; 
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o 

/—PNTD, GALVANIZED 



/ GUARD RAIL 

m 

: 

/ 

IU 

nz 


, -l/2"x4"xl 2" GALV. STEEL PLATE 

o 


/ EACH SIDE OF WALL PER 

Z 


/ CONNECTION 

cO 



2 - 3/4" THRU BOLTS PER 
CONNECTION MINIMUM 2 
CONNECTIONS PER RAILING 


ATTACH RAIL TO 
EXISTING WALL B/W 
ROOF AND CEILING 


ALL METALS AND FASTENERS 
TO BE GALVANIZED METAL 
WITH A PAINTED FINISH 



X 



PIPE PENETRATION 
STAINLESS STEEL HOSE CLAMP 

SEALANT 
ALUMINUM TAPE 
MEMBRANE FLASHING 

BASE FLASHING, 

HOT-AIR WELDED 

ROOFING 
vMEMBRANE 


X 


INSULA 

MECH. 

LOOSE 


ION 

FASTENED 
LAID AVB 




in 

CM 

o/. 


X 


ROOF UNIT SUPPORT DETAIL - ALTERNATE #2 

1/2" = l'-O" 



NOTES; 

I) ALUMINUM TAPE IS REQUIRED IF EXISTING PENETRATION IS 
CONTAMINATED. 


2) VAPOR BARRIER SHALL BE SEALED AT EDGES. 

PIPE PENETRATION FLASHING 

1 1/2" = l'-O" 


PROCEDURE 

I . SHORE FLOOR AND STUD BEARING WALLS ABOVE 

2. REMOVE EXIST SHEATHING AND STUDS 

3. ADD FRAMING FOR NEW OPENING 

4. REPLACE OR ADD SHEATHING FOR WALLS 




NEW OPENING IN EXISTING STUD BEARING WALL 

1/2" = l'-O" 


DCUc 
SEE MECN 



PROVIDE FT 4X6 SLEEPERS. ADJUST 
HEIGHT PER ROOF SLOPE. CUT BOTTOM 
OF SLEEPERS TO MATCH ROOF SLOPE. 
CONDENSER TO BE LEVEL PER MANUF. 
REQUIREMENTS. 


PROVIDE FLASHING AS REQ'D. 


PROVIDE PAD UNDER SLEEPERS 



CONDENSOR SLEEPER SUPPORTS 

1 1/2" = l'-O" 




TYPICAL BUILT UP HEADER SECTION 

1 1/2" = l’-O" 




ROOF UNIT SUPPORT DETAIL - ALTERNATE #2 

1/2" = l'-O" 


GENERAL NOTES: 

I . EXISTING ROOF TO BE PROTECTED. 

2. REFER TO SPEC. SECTION 003 I OO-PROJECT INFORMATION, 
020S00-A5BESTOS ABATEMENT, 020S20-MISCELLANEOUS 
HAZARDOUS MATERIALS REMOVAL FOR HAZARDOUS MATERIAL 
HANDLING REQUIRMENTS. 


Turowski2 Architecture 



P.O. Box 1290 
313 Wareham Road 
Marion, MA 02738 

508.758.9777 phone 
508.748.2444 fax 
www.t2architecture.com 

CONSULTANT: 



O 

o 

o 

c 

) 

COORDINATE WITH-^ 

DCUc 



ROOF DRAIN LOCATION 
SEE MECH DWGS 



NEW DUCTWORR. 
SEE MECH DWGS. 


NEW RTU. 

SEE MECH DWGS. 


STAMP: 


REVISIONS 


NO: 


DATE: 



ROOF PLAN - BASE BID 

1/8" = l'-O" 



CALLED 


NEW METAL GUARD 


2'-0"RAIL, FTD 


COORDINATE WITH - 

ROOF DRAIN LOCATION 
SEE MECH DWGS 



no 


o 

o 

o 

c 

) 


DCUc 


cc 

BY OWNER 


ALTERNATE 2 (DEDUCTION) CONTRACTOR 
FOR THIS PROJECT SHALL PROVIDE AIR COOLED 
CONDENSING UNIT (ACC-1) ON TO ROOF, 
COORDINATE FINAL LOCATION WITH OWNER. 
EQUIPMENT WILL BE CONNECTED WITH REFRIGERANT 
PIPING TO CC-1 , UNDER A SEPARATE CONTRACT BY 
THE OWNER. 

MOUNT ACC-1 ON PRESSURE TREATED SLEEPERS 
IN ACCORDANCE WITH MANUFACTURER'S 
RECOMMENDATIONS. 

REFER TO MECH. DWGS. 



ALTERNATE 2 (DEDUCTION) EXISTING 
ROOF TOP UNIT SHALL BE REUSED. 

OWNER TO MARE MODIFICATIONS $ 
PROVIDE CC I UNDER SEPARATE CONTRACT 
REFER TO MECH. DWGS. 
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ROOF PLAN - ALTERNATE #1 
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0 2 4 6 16 



A1.3 


CALLED 































































































































































































































































































































































































































































ROOM FINISH SCHEDULE 



ROOM 

FLOOR 

CEILING 

HEIGHT 

WALL 

BASE 

COMMENTS 







NORTH 

EAST 

SOUTH 

WEST 




# 

NAME 










6TH FLOOR 

601 

SUPERINTENDENT 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 


602 

SUPERINTENDENT RECEPTION 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 


603 

BUISI NESS/PURCHASING 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 


603A 

OFFICE 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 


603B 

CFP'S OFFICE 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 


604 

PAYROLL 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 


605B 

CONFERENCE 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


605A 

HUMAN RESOURCES DIRECTOR 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


605 

RECEPTION 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


605E 

ADMIN ASST. 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


605C 

GRANTS 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


605D 

ASST. SUPERINTENDENT 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


606A 

COPY ROOM 

VCT 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


606 

STAFF LOUNGE 

VCT 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


607 

SCHOOL COMMITTEE ROOM 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


608 

RECEPTION 

CARPET 

ACT 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


608B 

CONFERENCE ROOM 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


608A 

DIRECTOR 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


608C 

WAITING 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


609 

OPEN OFFICE AREA 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


609A 

OFFICE 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


609B 

OFFICE 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


609C 

FILES 

VCT 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


610 

GENERAL OFFICE/SPECIAL NEEDS 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


610A 

COORDINATOR 

CARPET 

PAINTED 

EXIST 

PAINTED 

PAINTED 

PAINTED 

PAINTED 

VINYL 


611 

CORRIDOR 

EXIST 

PTD/ALT 

EXIST 

EXIST 

EXIST 

EXIST 

EXIST 

VINYL 

BASE BID - PAINT NEW PIPING; ALT #1-PAINT ALL PIPING 












NOTES: 

1. ALL NEW PIPING AND DUCTWORK TO BE PAINTED 

2. TOUCH UP PAINT TO MATCH EXISTING AT ALL NEW EQUIPMENT AND AREAS DISTURBED IN ROOMS NOT TO RECIEVE PAINT. 

3. NEW DUCTWORK AND EXPOSED CONDUIT IN ROOMS NOT TO RECIEVE PAINT SHALL BE PAINTED TO MATCH EXISTING. 


DOOR SCHEDULE 



LOCATION 

SIZE 

DOOR 

FRAME 

DETAILS 



SIGNAGE 

COMMENTS 

# 

TO 

FROM 

WIDTH 

HEIGHT 

MATERIAL 

THICKNESS 

TYPE 

MATERIAL 

TYPE 

HEAD 

JAMB 

THRESHOLD 

HDWR SET 

FIRE RATING 


001 

RECEPTION 

CORRIDOR 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

3 

HM 

B 

2A 

4A 

5 

04 

- 

BY OWNER 

NONE 


002 

CONFERENCE 

RECEPTION 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

2 

HM 

B 

1 

3 

- 

03 

- 

BY OWNER 

NONE 

CH 

003 

HR DIRECTOR 

RECEPTION 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

2 

HM 

B 

1 

3 

- 

01 

- 

BY OWNER 

NONE 

O 

o 

004 

ASST SUPERINTENDENT 

RECEPTION 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

2 

HM 

B 

1A 

3A 

- 

01 

- 

BY OWNER 

NONE 

_i 

LL 

005 

ASST SUPERINTENDENT 

STAFF LOUNGE 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

4 

HM 

B 

1 

3 

5 

01 

- 

BY OWNER 

NONE 

X 

1— 

006 

COPY ROOM 

CORRIDOR 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

2 

HM 

B 

2A 

4A 

6 

02 

- 

BY OWNER 

NONE 

LD 

007 

RECEPTION 

GRANT 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

2 

HM 

B 

1 

3 

- 

02 

- 

BY OWNER 

NONE 


008 

CONFERENCE 

RECEPTION 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

3 

HM 

B 

1 

3 

- 

03 

- 

BY OWNER 

NONE 


009 

DIRECTOR 

RECEPTION 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

2 

HM 

C 

1 

3 

- 

01 

- 

BY OWNER 

NONE 


010 

OFFICE 

OPEN OFFICE 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

2 

HM 

C 

1 

3 

- 

01 

- 

BY OWNER 

NONE 


Oil 

OFFICE 

OPEN OFFICE 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

2 

HM 

C 

1 

3 

- 

01 

- 

BY OWNER 

NONE 


012 

GENERAL OFFICE 

OPEN OFFICE 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

2 

HM 

B 

1 

3 

5 

03 

- 

BY OWNER 

NONE 


013 

STAIRS 

GENERAL OFFICE 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

2 

HM 

B 

1A 

3A 

5 

06 

90 MIN 

BY OWNER 

NONE 


014 

GENERAL OFFICE 

FILES 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

4 

HM 

B 

1 

3 

5 

02 

- 

BY OWNER 

DOOR NOT USED IF ALT #1 IS SELECTED 


015 

CORRIDOR 

WAITING 

6'-0" 

7'-0" 

WOOD 

1-3/4" 

1 

HM 

A 

1 

3 

5 

05 

- 

BY OWNER 

DOOR NOT USED IF ALT #1 IS SELECTED 


ALTERNATE#! j 


016 

CORRIDOR 

RECEPTION 

3'-0" 

7'-0" 

WOOD 

1-3/4" 

1 

HM 

B 

2A 

4A 

5 

04 

- 

BY OWNER 

DOOR USED IF ALT #1 IS SELECTED 




















DOOR SCHEDULE NOTES 

1. GC TO VERIFY THICKNESSES OF ALL EXISTING WALLS AND DOORS, AND SIZE OF ALL OPENINGS. 

2. GC TO MATCH DOOR SIZE WITH EXISTING DOOR SIZE. VERIFY IN FIELD. 
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WINDOW SCHEDULE 



ROUGH OPENING 



DETAILS 


# 

WIDTH 

HEIGHT 

STYLE 

MATERIAL 

ELEVATION 

HEAD 

JAMB 

SILL 

COMMENTS 

A 

lO'-O" 

6'-10" 

FIXED 

HM 

A 

9/A1.4 

8A&9/A1.4 

9/A1.4 

NONE 












WINDOW SCHEDULE NOTES 

1. GC TO VERIFY THICKNESSES OF ALL EXISTING WALLS AND SIZE OF ALL OPENINGS. 

2. LITE PATTERNS AS SHOWN ON WINDOW TYPE ELEVATIONS 

3. DETAILS REFER TO SHEET A-1.4 UNLESS OTHERWISE NOTED. 

4. ALL WINDOWS TO BE FACTORY PRIMED ON INTERIOR FOR FIELD PAINTING. 






TYPE I 


TYPE 2 


TYPE 3 


TYPE 4 




TYPE B 




(a) 


REVISIONS 

NO: 

DATE: 







WALL TYPE 1 


WALL TYPE 2 WALL TYPE 3A WALL TYPE 3B 



WALL TYPE 4 




HM TRANSOM FRAME PROFILE 

6" = l'-O" 


1/2" = l'-O" 


1/2" = l'-O" 


1/2" = l'-O" 


1/2" = l'-O" 


1/2" = l'-O" 






VCT/VINYL/ 

EXIST 



T.O. SLAB 
VARIES 



REFER TO AD I . I FOR EXISTING 
FLOOR FINISH REMOVAL. 


EXIST SUBFLOOR 

EXIST FLOOR 
STRUCT 



THRESHOLD DETAIL 

3" = l'-O" 




THRESHOLD DETAIL 



SOUND BAT INSUL. 

(PER WALL TYPE) 

(2) 5/6" GYP BD. (EA. SIDE) 

METAL STUD PARTITION 
WALL- SEE WALL TYPES 

METAL CHANNEL 

ACOUSTIC 

SEALANT-BOTH SIDES 
OF WALL 

HOLLOW METAL FRAME 
ANCHORED TO WALL 
FILL FRAME W/ MINERAL 
WOOL INSULATION 
DOOR PER SCHEDULE 



SOUND BAT INSUL. 

(PER WALL TYPE) 

5/8" GYP BD. (EA. SIDE) 


METAL STUD PARTITION 
WALL 

METAL CHANNEL 

HOLLOW METAL FRAME 
ANCHORED TO WALL 


DOORPERSCHEDULE 



LU 


U 


LL_ 


LL_ 



cc 


O 

O 


LL. 


o 

o 



u 

LO 



CD 




O 
I— 
CD 



LU 


LU 

> 

< 


LO 

U 

LO 

Z> 



u 

< 

LO 

LO 

< 


O 
I— 
& 



DOOR HEAD AT SOUND PARTITION 

1 1/2" = l'-O" 



TYP. DOOR HEAD AT GYP BD WALL 

11/2" = l'-O" 




DOOR JAMB AT SOUND PARTITION 

11/2" = l'-O" 

DOOR JAMB AT EXIST WALL 

11/2" = l'-O" 



TYP. DOOR JAMB AT GYP BD WALL 

11/2" = l'-O" 

TYP. DOOR JAMB AT EXIST WALL 

11/2" = l'-O" 


\— 2 ? 2 cc: 

LO <C oo < 


TITLE: 


SCHEDULES, 
TYPES & 
DETAILS 


JOB NUMBER: 

12-15 


DRAWN BY: 

MED 


CHECKED BY: 

PJT 


March 27, 2013 


SCALE: 

AS NOTED 


SHEET NO: 


A1.4 


3" = l'-O 1 



















LEGEND 


SYMBOL 


ABBREV 


-F- 

-SP- 

- D- 

◄ EC 

◄ 

• EC 


DP.DN 

UP 


CV 

SCV 

FS 

TYP. 

AFF 

PC 

FPC 

GC 

HVAC 

EC 

EXP 

SCVA 


DESCRIPTION 

NEW WORK (DARK) 

EXISTING WORK (LIGHT) 

FIRE LINE ABV. GRADE 
SPRINKLER LINE (WET) 

SPRINKLER LINE (DRY) 

SIDEWALL SPRINKLER HEAD EXTENDED COVERAGE 

SIDEWALL SPRINKLER HEAD 

PENDANT SPRINKLER HEAD EXTENDED COVERAGE 

PENDANT SPRINKLER HEAD 

EXPOSED UPRIGHT SPRINKLER HEAD 

DRY SIDEWALL SPRINKLER HEAD 

DRY PENDANT SPRINKLER HEAD IN CEILING 

DRY EXPOSED UPRIGHT SPRINKLER HEAD 

DRY CONCEALED PENDANT SPRINKLER HEAD 

EXISTING SPRINKLERHEAD TO REMAIN 

PIPE DROP OR DOWN 

PIPE RISE OR UP 

TEE LOOKING DOWN 

CAP ON END OF PIPE 

CHECK VALVE 

SUPERVISED CONTROL VALVE 

FLOW SWITCH 

TYPICAL 

ABOVE FINISHED FLOOR 

PLUMBING CONTRACTOR 

FIRE PROTECTION CONTRACTOR 

GENERAL CONTRACTOR 

HEAT, VENT & AIR COND. CONTRACTOR 

ELECTRICAL CONTRACTOR 

EXPOSED 

SPRINKLER FLOOR CONTROL VALVE ASSEMBLY 


REMOVE EX.- 
SPRINKLER 
Sc PIPING 


NOTE: NOT ALL SYMBOLS LISTED ARE APPLICABLE TO THIS PROJECT. 


1. THE FIRE PROTECTION DRAWINGS ARE DIAGRAMMATIC AND ARE TO BE USED FOR THE PURPOSE 
OF ESTABLISHING GENERAL LOCATIONS OF PIPING RUNS, SIZES OF PIPING, AND QUANTITIES OF 
FIXTURES AND EQUIPMENT TO BE FURNISHED HEREIN. REFER TO ARCHITECTURAL DRAWINGS FOR 
DIMENSIONS FOR EXACT LOCATIONS OF ALL SPRINKLER HEADS, AND EQUIPMENT, INCLUDING 
MOUNTING HEIGHTS. IN THE EVENT OF CONFLICT OR IF DIMENSIONS ARE NOT SHOWN, OBTAIN 
FIELD DIRECTIVE FROM THE ARCHITECT AS TO THE LOCATIONS OF ALL VISIBLE EQUIPMENT. 

2. REFER TO ARCHITECTURAL REFLECTED CEILING PLANS FOR CEILING HEIGHTS AND 
AND LAYOUTS. REFER TO THE RESPECTIVE HVAC AND ELECTRICAL DRAWINGS FOR 
LIGHTING, DIFFUSER AND REGISTER LAYOUTS IN CEILINGS AND FOR PIPING, 

DUCTWORK AND EQUIPMENT At CEILINGS FOR COORDINATION PURPOSES. IN THE 
EVENT OF CONFLICT OR IF DIMENSIONS ARE NOT SHOWN, OBTAIN FIELD DIRECTIVE 
FROM THE ARCHITECT AS TO THE LOCATIONS OF ALL VISIBLE EQUIPMENT. 

3. THE SPRINKLER CONTRACTOR SHALL PROVIDE AS PART OF THIS CONTRACT ALL SPRINKLERS 
BELOW FIXED OBSTRUCTIONS 48” AND LARGER AS REQUIRED BY NFPA 13, 8.6.5.3.3. IT IS THE 
RESPONSIBILITY OF THE SPRINKLER CONTRACTOR TO PROVIDE THE REQUIRED SPRINKLERS 
AND ALL ASSOCIATED PIPING, FITTINGS, HANGERS, ETC. FOR A COMPLETE INSTALLATION. 

4. SPECIFIC ATTENTION IS DIRECTED TO THE REQUIREMENTS OF MBC 914.7, 3305.3, 
3306.1, AND NFPA 241-2004 REGARDING THE MAINTENANCE OF FIRE PROTECTION 
SYSTEMS DURING CONSTRUCTION AND DEMOLITION. MAINTAIN THE SYSTEMS AS 
REQUIRED BY THESE STANDARDS AS A MINIMUM. 

5. REFER TO NFPA 13 TABLE 8.3.2.5(a) FOR TEMPERATURE RATING OF SPRINKLERS BASED ON 
DISTANCE FROM HEAT SOURCES SUCH AS HEATING DUCTS, DIFFUSERS AND UNIT HEATERS. 

6. THE SPRINKLER CONTRACTOR SHALL BE RESPONSIBLE FOR PLACING THE SPRINKLER SYSTEM 
BACK ON LINE AND OPERATIONAL AT THE END OF EACH WORKING DAY 

7. PAY ALL COSTS ASSOCIATED WITH ACTIVATING Sc DEACTIVATING THE FIRE ALARM 
SYSTEM TO PERFORM THE SPRINKLER WORK. 

8. SPRINKLER CONTRACTOR IS TO PROTECT EXISTING SPRINKLER PIPING AND HEADS TO 
REMAIN. CONTRACTOR IS TO FIX ALL LEAKS THAT OCCUR IN THE EXISTING SYSTEM AT 
NO COST TO THE OWNER. 


I )RD1NAT0F 




jSENERAL 
OFKZE/SPECIAL 
NEEDS 



CORRIDOR 




^ ^STAIR 
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OFFICE 
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OP|EN 

OFFICE 

AREA 





RIDOR 



IRECToh 
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RECE^ION 


PROVIDE A NEW ROW OF 
SPRINKLERS UNDER LOWEST DUCT. 
OFFSET BRANCH MAIN PIPE 
Sc SPRINKLER PIPING AROUND 
OBSTACLES 


EXISTING SPRINKLER 
BRANCH MAIN PIPING 
TO REMAIN HIGH 
ABOVE DUCTWORK 


NOTE: 

OFFSET RUNS OF NEW SPRINKLER 
PIPING TO HANGING POINTS DUE 
TO QUANTITY & LOCATION OF 
EXISTING DUCTORK TO REMAIN. 


EXISTING SPRINKLER 
BRANCH MAIN PIPING 
TO REMAIN HIGH 
ABOVE DUCTWORK 


LOCATE HIGH, CLOSE 
TO CEILING 


PROVIDE A NEW ROW OF "KM 
SPRINKLERS UNDER LOWEST DUCT. 

OFFSET BRANCH MAIN PIPE 1 

Sc SPRINKLER PIPING AROUND L 

OBSTACLES 




SUPERINTENDENT 


CORRIDOR 


CONFERENCE 

ROOM 




_SmB_I__! 


CORRIDOR 


■WHEN SUSPENDED CEILING 
IS PROVIDED, LOCATE PENDANT 
SPRINKLER HERE. 

■LOCATE HIGH, CLOSE 
TO CEILING (WHEN NO 
SUSPENDED CEILING) 


EXISTING SPRINKLERS 
ARE TYPICALLY HIGH 
NEAR CEILING, ABOVE 
2 ROWS OF DUCTWORK 


SUPERINTENDENT)^ 
RECEPTION I 


E/ISjTjNiG 
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1 i i i i i i 

1 I ! I I I I 

1 I I I I I I 


STANDPIPE- 
TC REMAIN 

i i i 

i i i 
i i i 
... j- -| 

—i— -i— i 

i i i 
i i 1 
i i 1 
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-EX.2 y 2 ' 


NEW 
SPRINKLERS 
Sc PIPING 



¥ 

COPY ftOOM 


NEW CABIN] ETS- 
BY OWNERi 



/ 

PROVIDE A NEW ROW OF 

SPRINKLERS UNDER LOWEST DUCT. 

OFFSET BRANCH MAIN PIPE 

Sc SPRINKLER PIPING AROUND 

OBSTACLES 

u___ 

1—SP-«-j- — - 

1 

_* 

f- 

1 

A 
/ ** 

/ ¥ 

1 1 

A 

1 CORRIDOR 

1 t i i 


1 

7 ’- 6 ” X 

MAX. K 

—SP- 

--SP- 


-SP- 


EXISTING SPRINKLERS 
ARE TYPICALLY HIGH 
NEAR CEILING, ABOVE 
2 ROWS OF DUCTWORK 

HEXISTING SPRINKLER 
BRANCH MAIN PIPING 
TO REMAIN HIGH 
ABOVE DUCTWORK 



SP — 


-1-\-Tt-f - L -^—O 


-L - cp- 1 


-G 


-EXISTING STANDPIPE 
TO REMAIN 


V EX,4” 


ill 

mi 

i—i—i— 


i i i i i 
i i i i i 
l_ 1_ _L _1 _l 


EX. 2 y 2 " 


¥ 

GRANTS 




I I 1 

I I I 

I I I 

_LJ_ J 


SCHOOL COMMITTEE 
ROOM 

[eo3 I 
T 


STAFF LOpNGE 


ASSISTANT 

.SUPERINTENDENT 


EXISTING! 
SPRINKLERS 
& PIPING TO 
REMAIN TYPICAL 


ADMIN, 

ASST. 


RECEPTION 



¥ 

i 

I 

I 

-sp-1- 

I 


OFFICE 




PAYROLL 


NEW! 
SPRINKLERS 
Sc PIPING 


BUSINESS/ 

PURCHASING 


HUMAN 


REMOVE EX.! 
SPRINKLERS 
Sc PIPING 

NEW! 
SPRINKLERS 
Sc PIPING 


CFO'S OFF CE 


i _\ 6 TH FLOOR CEILING PLAN 

FP1.1 J SCALE: 1/8” = I’-O” 


- FIRE PROTECTION 
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6TH FLOOR 
SPRINKLER 
REVISIONS 
FIRE PROTECTION 


JOB NUMBER: 

12-15 


NOTE: 

1. ALL PIPING PENETRATING ALL PARTITIONS, WHETHER FIRE OR SMOKE 
RATED OR NOT, CONCEALED OR EXPOSED, SHALL BE SLEEVED AS DETAILED. 

2. WHERE CONC. WALLS, SLABS, ETC., ARE CORE DRILLED, INSTALL SLEEVE 
FLUSH WITH BOTH SIDES, CAULKED & LEADED IN PLACE. 

3. REFER TO DIVISION 4 & 9 FOR PROCEDURES & METHODS OF PATCHING AROUND SLEEVES AT 
GYPSUM, PLASTER & MASONRY. REFER TO SPECS FOR DELINEATION OF RESPONSIBILITY 

4. SLEEVES SHALL BE SIZED TO PROVIDE MIN. 1” CLEARANCE BETWEEN PIPE O.D. Sc SLEEVE I.D. 
FOR PIPING UP TO 3” IN SIZE. PROVIDE 2" CLEARANCE BETWEEN PIPE O.D. & SLEEVE I.D. 
FOR PIPING 4” IN SIZE AND GREATER. 


SLEEVE NOTES 


SLEEVE THRU GYPSUM 
WALLBOARD TO BE ’’TAPED” & 
’’MUDDED” - SEE NOTE #3 


SCHED. 40 GALV. STEEL 
PIPE SLEEVE, CUT FLUSH 
ON BOTH SIDES OF PARTITION 


FIRE PROTECTION SUB TO FILL 
ANNULAR SPACE w/RESILIENT 
U.L./E.M. EIRE CAULKING 
COMPOUND. MATCH RATING 
WHEN PENETRATING FIREWALLS. 



CHROME PLATED 
ESCUTCHEON IN 
EXPOSED AREAS 

SPRINKLER PIPING 


SLEEVE THRU MASONRY 
TO BE MORTARED 
SEE NOTE #3 


THRU PARTITIONS & WALLS 

^TYPICAL SLEEVE CONDITION DETAILS 

FP1.1 /N.T.S. 


FIN. FLOOR 



C.P. ESCUTCH. 
AS REQ’D @ 
EXPOSED AREAS 


RESILIENT CAULK (TYP.) 


GALV. SCHED 40 
STL. SLEEVE (TYP.) 


THRU CONC. FLOORS 

N.T.S. 


ADJUSTABLE SWIVEL RING 
UL/EM HANGER ASSEMBLY 


H 



HANGER ROD SUPPORTED 
FROM STRUCTURE 

EXTEND HANGER ROD 
TIGHT TO PIPE 
ALTERNATE: USE UL/FM 
SURGE SUPPRESSOR CLIPS 


3 /TYPICAL END—OF—LINE BRANCH 
, FP _ U / PIPE HANGER DETAIL" 

SCALE: N.T.S. 

NOTE: TO BE USED AT ALL END-OF-LINE BRANCH 
HANGERS THROUGHOUT PROJECT 




March 27, 2013 


AS NOTED 


FP-1. 



























ROOFTOP UNIT WITH ENERGY RECOVERY 


UNIT 

NO. 

MANUF. 

NO. 

AREA SERVED 

MIN EER 
(W/0 WHEEL) 

TOTAL 

C.F.M. 

O.A. 

C.F.M. 

MAX. 

COIL 

HEATING DATA 

COOLING DATA 

VEL. 

ENT. 

LVG. 

HW COIL DATA 

REH 

EAT DATA 

ENT. COND. 

LVG. COND. 

M.l 

B.H. 

NO. OF 
COMP. 

F.P.M. 

AIR'F 

AIR'F 

MBH 

GPM 

EWT 

LWT 

WPD 

CAP MBH 

LAT 

EAT 

D.B.'F 

W.B.’F 

D.B.'F 

W.B.’F 

SENS. 

TOTAL 

RTU-1 

RN—015—8—0—EB09 

6TH FLR 

11.3 

4000 

4000 

500 

41.1 

88.4 

216.0 

20 

200 

180 

2.6 

78 

65 

58 

82 

69 

54 

53 

113 

183 

2 


ROOFTOP UNIT SELECTIONS FOR RTU-1 BASED ON ”AAON”. 

ROOFTOP MANUF. SHALL PROVIDE VARIABLE FREQUENCY DRIVES FOR SUPPLY AND RETURN AIR FANS AND ENERGY RECOVERY WHEELS (IF APPLICABLE) FOR EACH UNIT IN ACCORDANCE WITH DIV. 260000 REQUIREMENTS. 
REFER TO DETAILS FOR ROOF CURB AND RTU MOUNTING INFORMATION. 


DUCTLESS COOLING UNIT SYSTEMS 

UNIT 

NO. 

MANUF. 

NO. 

EVAP. LOCATION 

COND. 

PUMP 

EVAPORATOR UNTS 

CONDENSER UNITS 

REMARKS 

CFM 

COOLING MBH 

HTG MBH 

V 

PH 

MAX. FUSE 

TAG 

MODEL 

TONS 

COOLING MBH 

HTG MBH 

V 

PH 

MAX. FUSE 

DCUe-1 

PKFY 18 

SUPERINTENDENT 

CP-1 

320 

18 

20.0 

208 

1 

15.0 










DCUe-2 

PKFY 24 

SUPERINT. REC. 

CP-1 

570 

24 

27.0 

208 

1 

15.0 










DCUe-3 

PKFY 12 

B/P OFFICE 

CP-1 

320 

12 

13.5 

208 

1 

15.0 










DCUe-4 

PKFY 15 

BUSINESS PURCHASING 

CP-1 

320 

15 

17.0 

208 

1 

15.0 










DCUe-5 

PKFY 15 

CFO’S OFFICE 

CP-1 

320 

15 

17.0 

208 

1 

15.0 










DCUe-6 

PKFY 15 

BUSINESS PURCHASING 

CP-1 

320 

15 

17.0 

208 

1 

15.0 










DCUe-7 

PKFY 24 

PAYROLL 

CP-1 

570 

24 

27.0 

208 

1 

15.0 










DCUe-8 

PKFY 06 

SM CONFERENCE RM 

CP-1 

170 

06 

6.7 

208 

1 

15.0 

DCUc-1 

PUHY-P288 

24.0 

288.0 

323.0 

208 

3 

MOD 1-60 

SEE NOTES 

DCUe-9 

PKFY 12 

HR DIRECTOR 

CP-1 

320 

12 

13.5 

208 

1 

15.0 








MOD 2-50 


DCUe-10 

PKFY 06 

GRANTS OFFICE 

CP-1 

170 

06 

6.7 

208 

1 

15.0 








MOD 3-35 


DCUe-11 

PKFY 12 

ADMIN ASSIST. RECPT. 

CP-1 

320 

12 

13.5 

208 

1 

15.0 










DCUe-12 

PKFY 12 

ASSIST. SUPERINTEND. 

CP-1 

320 

12 

13.5 

208 

1 

15.0 










DCUe-13 

PKFY 12 

STAFF LOUNGE 

CP-1 

320 

12 

13.5 

208 

1 

15.0 










DCUe-14 

PKFY 12 

COORDINATOR 

CP-1 

320 

12 

13.5 

208 

1 

15.0 










DCUe-15 

PKFY 08 

GEN OFF/SPEC. NEEDS 

CP-1 

170 

08 

9.0 

208 

1 

15.0 










DCUe-16 

PKFY 06 

OFFICE 

CP-1 

170 

06 

6.7 

208 

1 

15.0 










DCUe-17 

PKFY 06 

OFFICE 

CP-1 

170 

06 

6.7 

208 

1 

15.0 










DCUe-18 

PKFY 12 

DIRECTOR 

CP-1 

320 

12 

13.5 

208 

1 

15.0 










DCUe-19 

PKFY 12 

LG CONFERENCE RM 

CP-1 

320 

12 

13.5 

208 

1 

15.0 










DCUe-20 

PKFY 08 

RECPT. OPEN OFFICE 

CP-1 

170 

08 

9.0 

208 

1 

15.0 










DCUe-21 

PKFY 30 

SCHOOL COMM. RM 

CP-1 

710 

30 

34.0 

208 

1 

15.0 










DCUe-22 

PKFY 30 

SCHOOL COMM. RM 

CP-1 

710 

30 

34.0 

208 

1 

15.0 










DCUe-23 

PKFY 30 

SCHOOL COMM. RM 

CP-1_ 

710 

_30_ 

_34£_ 

208 

_1_ 

15.0_ 










SELECTION BASED ON 

’’MITSUBISHI”, PROVIDE WIRED T’STAT, LOW AMBIENT CONTROL AND INTERNAL MOUNTED CONDENSATE PUMP OF 

MODEL LISTED 

ABOVE. 

CFM BASED ON FANS SET AT LOW 

SPEED. PROVIDE WITH 

AIR COOLED CONDENSING UNIT AS 

INDICATED IN THE SCHEDULE. ALL REFRIGERANT TUBING SHALL BE 

SIZED BY UNIT MANUFACTURER 

. PROVIDE ALL 

NECESSARY JOINT KITS, 

FITTINGS AND ACCESSORIES FOR A COMPLETE OPERATING 

SYSTEM 

PER MANUFACTURER’S RECOMMENDATIONS. PROVIDE NECESSARY EQUIPMENT FOR BMS INTERFACE. SYSTEM SHALL BE CAPABLE 

OF HEATING OR COOLING SYSTEM CHANGEOVER 














SYSTEM PUHY-P288 IS MADE UP OF 3 MODULES: MOD 1 

— PUHY 

120, MOD 2—PUHY P96, MOD 

3—PUHY P72. 

ELECTRICAL 1 

REQUIREMENTS BASED ON EACH 

MODULE. 




DIFFUSERS 

NO. 

SIZE 

STYLE 

REMARKS 

A 

SEE PLANS 

530D 


B 

SEE PLANS 

AMX 


SELECTION BASED 
ON PRICE 

NOTE 1: 

3S FOR FLOW 
:fm AND 

REFER TO DRAWINC 
DIRECTION, SIZE, C 
QUANTITIES 


RETURN/EXH/ 

TRANSFER/, 

REGISTER(R/E) 


NO. 

STYLE 

1 

530D 

2 

80D 


SELECTION BASED 
ON ’’PRICE” 

NOTE £1: REFER TO 
DRAWINGS FOR 
THROW DIRECTION, 
SIZE & CFM AND 
QUANTITIES 


AIR CONDITIONING DESIGN DATA 

DESIGN AREA 

SUMMER 

WIN’ 

FER 

OUT 

IN 

OUT 

IN 

D.B. 

W.B. 

D.B. 

RH % 

D.B. 

D.B. 

ARLINGTON, MASSACHUSETTS 

87 

74 

75 

50 

7.0 

72 


CONDENSATE PUMPS 


UNIT 

MANUF. 

SERVICE 

G.P.H. 

T.D.H. FT 

MOTOR 

REMARKS 

NO. 

NO. 

WATER 

WATTS/HP 

VOLT 

PH. 

CP-1 

SI-30 

DCUe 

3.0 

10’ 

50 W 

120 

1 



CP-1 SELECTION BASED ON ’’SAUERMANN”. 

PROVIDE OVERFLOW SAFETY SWITCH FOR EACH PUMP W/ ALARM, ALSO EACH 
PUMP SHALL BE FURNISHED WITH PROVISIONS FOR DIRECT CONNECTION (HARD 
WIRE) WITH PIGTAIL READY FOR CONNECTION BY ELECTRICAL CONTRACTOR. 



AIR COOLED 

CONDENSING UNITS (FOR ALTERNATE 1 ONLY) 

UNIT 

NO. 

MANUF. 

NO. 

SERVICE 

ENT. 

D.B. 

NOMINAL 

TONS 

FANS 

NO./HP. 

COMP. 

NO./TONS 

VOLT/PH. 

REFRIG 

CIRCUITS 

REFRIG 

TYPE 

REMARKS 

ACC-1 

TTA150 

AHU-1 

95 

12.5 

1/1 

2/5.6 

208/3 

2 

R410A 


SELECTION BASED ON TRANE 









IF ALTERNATE NUMBER 1 IS ACCEPTED FOR THE PROJECT THE CONTRACTOR SHALL PROVIDE THIS 

EQUIPMENT AND PLACE ON ROOF. CONTRACTOR TO COORDINATE LOCATION ON ROOF WITH OWNER. 

UNIT SHALL BE MOUNTED ON 4x4 PT SLEEPERS IN ACCORNDACE WITH THE MANUFACTURER’S 

RECOMMENDATIONS. OWNER SHALL BE RESPOSIBLE FOR CONNECTING EQUIPMENT INTO EXISTING 

SYSTEM. 


SUPPLY AIR 


RETURN AIR 


ENERGY WHEEL 


STEPS/ 

COMP. 


VAV 

CONTROL 


VFD 

DRIVE 


E.S.P. 

IN.W.G, 


H.P. 


VOLT 


PH. 


R.P.M 


E.S.P. 


H.P. 


VOLT 


PH. 


R.P.M 


CAPACITY (MBH) 


HEAT 


SENSIBLE 


LATENT 


REMARKS 


YES 


1.0 


208 


1760 


1.0 


208 


1760 


203.8 


134.87 


69.0 


Turowski2 Architecture 


GENERAL NOTES 


LEGEND 


1 ALL PIPING AND DUCTWORK UNLESS DIMENSIONED IS SHOWN 
DIAGRAMATICALLY ONLY, EXACT LOCATION SHALL BE 
DETERMINED IN FIELD AFTER COORDINATING WITH OTHER 
WORK. 

2 FOR TYPICAL PIPING DIAGRAMS AND CONNECTIONS AT 
EQUIPMENT, SEE DETAIL DRAWINGS. 

3 EXACT LOCATION OF ALL CEILING DIFFUSERS, REGISTERS, AND 
GRILLES SHALL BE COORDINATED WITH LIGHTING FIXTURES. 

REFER TO REFLECTED CEILING PLAN. 

4 FOR DETAILS OF ROOF CURBS, FLASHING, PIPING, AND 
VENTS THRU ROOF REFER TO ARCHITECTURAL DRAWINGS. 

5 FOR LOCATION OF OPENINGS IN ROOF AND FLOORS REFER 
TO STRUCTURAL AND ARCHITECTURAL DRAWINGS. 

PROVIDE TO SUIT EQUIPMENT. 

6 AUTOMATIC VENTS, VALVES, ETC. THAT MUST BE 
SERVICED SHALL BE LOCATED IN ACCESSIBLE POSITIONS. 

7 GENERAL CONTRACTOR SHALL PROVIDE CONCRETE BASES A 4” 

MINIMUM HEIGHT. LOCATION AND DIMENSIONS ARE APPROXIMATE. 

8 THIS CONTRACTOR SHALL PROVIDE REMOVABLE PANELS AT 

LOCATIONS WHERE ACCESS TO VALVES, DAMPERS, FIRE DAMPERS, 

ETC. ARE REQUIRED. 

9 ALL DUCTWORK SHALL HAVE JOINTS AND SEAMS 
FILLED WITH SEALANT FOR AIR TIGHT INSTALLATIONS. 

10 PROVIDE SWING JOINTS AT ALL PIPING TAKEOFFS FROM 
MAINS (MINIMUM OF 3 ELBOWS). 

11 ALL AIR VENTS SHALL BE INSTALLED WITH COCKS SUCH THAT 
VENTS CAN BE REMOVED WITHOUT DRAINING SUPPLY AND RETURN 
MAINS. 

12 PROVIDE DUCT ACCESS DOORS FOR ALL FIRE AND CONTROL 
DAMPERS LOCATED IN DUCTWORK RUNS. 

13 HVAC CONTRACTOR SHALL COORDINATE ALL WORK WITH 
PLUMBING AND ELECTRICAL CONTRACTORS. 

14 HVAC CONTRACTOR SHALL INFORM G.C. AS TO THE LOCATION 
AND SIZE OF ALL ACCESS PANELS. 

15 ALL DOOR GRILLES SHALL BE BY G.C. 

16 ALL SUPPORT STEEL UNLESS SHOWN ON STRUCTURAL 
DRAWINGS SHALL BE PROVIDED BY H.V.A.C. CONTRACTOR. 

17 ALL DUCT ELBOWS SHALL BE LONG RADIUS (R=1.5), OR 
SQUARE TYPE WITH DOUBLE THICKNESS TURNING VANES. 

18 DUCT SMOKE DETECTORS INDICATED ARE TO BE PROVIDED & 

WIRED BY ELECTRICAL CONTRACTOR AND INSTALLED BY THIS 
CONTRACTOR. FIRE ALARM INTERLOCK BY E.C. 

19 FOR ALL CONNECTIONS TO BUILDING STEEL REFER TO STRUCTURAL 
DRAWINGS. 

20 TOTAL DYNAMIC HEAD AND STATIC PRESSURE INDICATED IN THE SCHEDULES 
IS BASED ON ENGINEERING ANALYSIS AND MAY NOT NECESSARILY MATCH 
ACTUAL INSTALLED CONDITIONS. THIS CONTRACTOR SHALL PROVIDE REQUIRED 
SHEAVES, BELTS AND DRIVES TO MEET VOLUME FLOW CHARACTERISTICS 
SPECIFIED. 

21 PROVIDE 4” FLEXIBLE CONNECTION AT EACH DUCT CONNECTION 
TO FAN OR AIR HANDLING UNIT. 

22 THE MANUFACTURER LISTED IN THE SCHEDULES REFLECTS THE BASIS OF DESIGN AS 
INDICATED ON THE CONTRACT DRAWINGS AND IS NOT INTENDED TO SUGGEST THE 
REQUIRED PROVIDER. REFER TO THE SPECIFICATIONS FOR A COMPLETE DESCRIPTION 
OF EACH PRODUCT REQUIRED AND REFERENCE ”0R EQUAL” REQUIREMENTS. 

23 PROVIDE ISOLATION VALVES AT EACH DUCTLESS COOLING UNIT INDOOR 
EVAPORATOR FOR SERVICING PURPOSES. 

24 PROVIDE ALL DUCTWORK TRANSITIONS, FITTINGS AND OFFSETS REQUIRED 
FOR NEW DUCTWORK CONNECTIONS. TYPICAL FOR ALL NEW DUCTWORK 
CONNECTIONS AS WELL. 

25 PROVIDE DUCT CONNECTIONS FROM DUCT MOUNTED SUPPLY AND RETURN 
GRILLES TO NEW OR EXISTING DUCTWORK. DUCTWORK SHALL BE FULL 
WIDTH AND HEIGHT OF GRILLE. 


SYMBOL 

0 


{XT 

{XT 

XT 

■oRt 

tXT 

■X- 

TftT 

{fo- 

T 

m 

M- 


k 


lA 

_L 


I 


ABBREV 

DIA 

HHWS 

HHWR 

RL 

RS 

D 





■a MD 

i FD 

i VD 

l BD 



X 

AFF 

ATC 

ATC 

CFM 

DG 

EAT 

EF 

EWT 

ESP 

ETR 

EDB 

EWB 

FC 

GC 

HVAC 

HP 

LAT 

LDB 

LWB 

LWT 

MANUF 

NTS 

OA 

PC 

PD 

PH 

RA 

RH 

RHC 

RTU 

SA 

TBR 

TDH 

TSP 

TYP 

UD 

UH 

UV 

V 

VEL 


DESCRIPTION 

DIAMETER 

HEATING HOT WATER SUPPLY 
HEATING HOT WATER RETURN 
REFRIGERANT LIQUID 
REFRIGERANT SUCTION 
DRAIN 

GATE VALVE 
GLOBE VALVE 
CHECK VALVE 
BUTTERFLY VALVE 
BALL VALVE 

THREE-WAY CONTROL VALVE 

TWO-WAY CONTROL VALVE 

FLOW METERING ELEMENT 

CIRCUIT SETTER VALVE 

TRIPLE DUTY VALVE 

DRAIN VALVE 

PLUG VALVE 

SAFETY VALVE 

STRAINER 

UNION 

AUTOMATIC AIR VENT 
PIPE UP (ELBOW) 

PIPE DOWN (ELBOW) 

PRESSURE GAGE WITH GAGE COCK 
THERMOMETER 

BRANCH CONNECTION OUT OF TOP 

BRANCH CONNECTION OUT OF BOTTOM 

BRANCH CONNECTION OUT OF SIDE 

CAP ON END OF PIPE 
FLOW IN DIRECTION OF ARROW 
THERMOSTAT 

SUPPLY AIR DUCT SECTION 

RETURN/EXHAUST AIR DUCT SECTION 

SUPPLY AIR 

RETURN/EXHAUST AIR 

MOTORIZED DAMPER 

FIRE DAMPER 

VOLUME DAMPER 

BACKDRAFT DAMPER 

SMOKE DETECTOR 

BMS SENSOR 

THERMOSTAT 

CONNECT NEW TO EXISTING 
LIMIT OF DEMOLITION 


KEY NOTE (DEMOLITION DRAWINGS) 

TO BE DEMOLISHED 

ABOVE FINISHED FLOOR 
AUTOMATIC TEMP. CONTROL 

BUILDING MANAGEMENT SYSTEM 
CUBIC FEET PER MINUTE 

DOOR GRILLE 

ENTERING AIR TEMPERATURE 
EXHAUST FAN 

ENTERING WATER TEMPERATURE 
EXTERNAL STATIC PRESSURE 
EXISTING TO REMAIN 
ENTERING DRY BULB 
ENTERING WET BULB 
FAN COIL 

GENERAL CONTRACTOR 

HEATING, VENTILATING AND AIR COND. 

HORSEPOWER 

LEAVING AIR TEMPERATURE 
LEAVING DRY BULB 
LEAVING WET BULB 
LEAVING WATER TEMPERATURE 
MANUFACTURER 

NOT TO SCALE 
OUTSIDE AIR 
PLUMBING CONTRACTOR 
PRESSURE DROP 
PHASE 
RETURN AIR 
ROOF HOOD 
REHEAT COIL 
ROOF TOP UNIT 

SUPPLY AIR OR SOUND ATTENUATOR 

TO BE REMOVED 

TOTAL DYNAMIC HEAD 

TOTAL STATIC PRESSURE 

TYPICAL 

UNDERCUT DOOR 

UNIT HEATER (CABINET OR HORIZONTAL) 

UNIT VENTILATOR 

VOLTS 

VELOCITY 
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DEMOLITION KEY NOTES: 




EXISTING WINDOW AIR CONDITIONING 
UNIT TO BE REMOVED BY OWNER. 



BASE BID:EXISTING JACKSON CHURCH 
H&V UNIT TO BE REMOVED 
INCLUDING ALL ASSOCIATED 
APPURTENANCES. ROOE PENETRATION 
TO BE REUSED WITH NEW UNIT, 
REEER TO NEW WORK PLANS FOR 
ADDITIONAL INFORMATION. ALTERNATE 
2IREFER TO ROOF PLAN FOR 
ADDITIONAL INFORMATION ON 
DEMOLITION BASED ON ALTERNATE. 



EXISTING HEATING HOT WATER 
SUPPLY (HHWS) DN TO REMAIN. 



EXISTING HEATING HOT WATER 
RETURN (HHWR) DN TO REMAIN 



EXISTING DUCTWORK TO REMAIN. 



EXISTING METAL DEFLECTOR ON 
EXISTING GRILLES TO BE REMOVED. 



EXISTING PNEUMATIC THERMOSTATS 
TO REMAIN. 



EXISTING WALL MOUNTED BMS 
SYSTEM ROOM TEMPERATURE 
SENSOR TO BE REPLACED IN KIND 
BY ORIGINAL EQUIPMENT PROVIDER 
(AEM CONTROLS). EXISTING HOT 
WATER UNIT HEATERS SERVING 
CORRIDORS TO REMAIN. 



EXISTING HOT WATER UNIT HEATERS 
SERVING CORRIDORS TO REMAIN. 



EXISTING HEATING HOT WATER PIPING 
AND ALL RELATED APPURTENANCES 
SUCH AS HANGERS, INSULATION AND 
VALVES TO REMAIN. 


EXISTING TOILET ROOM EXHAUST 
SYSTEM TO REMAIN. 



EXISTING DUCTWORK AND EXHAUST 
GRILLES TO REMAIN 




EXISTING WALL MOUNTED SUPPLY 
AND RETURN GRILLES TO BE 
REMOVED. REFER TO NEW WORK 
PLANS FOR ADDITIONAL INFORMATION. 

EXISTING WALL MOUNTED EINTUBE 
PIPING AND HANGERS TO REMAIN. 

EXISTING EIRE DAMPER LOCATED IN 
EXISTING SUPPLY AIR DUCT AT 
STAIRWAY PENETRATION TO REMAIN. 




EXISTING RETURN GRILLE TO BE 
REMOVED, VERIFY IN FIELD SIZE OF 
EXISTING GRILLE FOR SAME SIZE 
REPLACEMENT OF NEW GRILLE W/ 
DAMPER. 

EXISTING PNEUMATIC THERMOSTAT 
MOUNTED ON EXISTING INTEGRAL 
CLASSROOM PANEL. INTEGRAL 
CLASSROOM PANEL REMOVED BY 
ELECTRICAL CONTRACTOR. EXISTING 
THERMOSTAT MOUNTED ON PANEL 
SHALL BE SALVAGED FOR REUSE 
ONCE CLASSROOM PANEL HAS BEEN 
REMOVED. INSTALL IN THE SAME 
APPROXIMATE LOCATION. HVAC 
CONTRACTOR SHALL COORDINATE 
WITH ELECTRICAL CONTRACTOR. 


DEMOLITION GENERAL NOTE: 


1. EXISTING WALL MOUNTED 
THERMOSTATS SERVING PERIMETER 
FIN TUBE RADIATION TO REMAIN. 
WHERE CLASSROOM BOARD ARE 
BEING REMOVED BY ELECTRICAL 
CONTRACTOR, THERMOSTAT SHALL 
BE REMOVED AND RE-INSTALLED ON 
WALL IN THE SAME APPROXIMATE 
LOCATION. CONFIRM WITH ARCHITECT 
CLASSROOM BOARD REMOVAL 
IMPACTING EXISTING THERMOSTATS. 
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EXISTING ROOF 
MOUNTED EXHAUST 
FAN TO REMAIN — 


EXISTING FIN TUBE 
RADIATION TO 
REMAIN -^ 



10 x6 


r^n 

L^_FJ 



„ „ 134x6 

-8 x6 P^OO 



H= =f"l 
I_I 



-EXISTING FIN 
TUBE RADIATION 
TO REMAIN 


1U x6 


18”x6”- 
-1 0”x6” 



S-B 

8x6 

100 


12 x6- 


f R-1 

1 10x1C 

T f200~ 



-(E) 29”x10” 


ACOUSTICALLY LINED 
TRANSFER DUCTWORK 
FOR RETURN AIR- 



-10 x6 


(E) 32”>:10- 


ACOUSTICALLY LINED 
TRANSFER DUCTWORK 
FOR RETURN AIR- 



BASE BID: 

NEW RTU WITH ADAPTOR 
ROOF CURB FOR EXISTING 
ROOF PENETRATION. 
CONTRACTOR TO VERIFY IN 
FIELD EXACT SIZE 
REQUIRED.- 




(E) 27”x1 8’ 


— (E) 34”x18” 
(E) 27”x18”- 

- 4 


n _n 

-l— 




-(E) 27”x18” 


I \l !R 



I 

^ 4 a 


S-B 

34x6 

1,100 



ACOUSTICALLY LINED 
TRANSFER DUCTWORK 
FOR RETURN AIR - 


V 

mol 

NE/7 CABINETS—1 
BY OWNEI ^. r _i 

fi OxTC W 
150 




si 


14”x6- 


R—1 6x6 

8x8 50 [ 

50 


14x6- 
10”x6- 


/ 

Vi 
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(E) 34”x 18” / 
(E) 37”x18”- J 


S-B I 8”x 
7x4 —^ 
100 






-14o<6’ 

S-A 

6x6 

100 


1 0”x6- 
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8”x6-\ 8x8 

\ 100 


8”x6^ 


— 18”x6’ 


f R—1 

_/ 10x1C 

R—1 r300~ 

6x6 10”x6- 

100 

UD 


I S-A 
7x4 
UD 100 



R=2. A 

34x6 /X 
" 2001 / | 




18 x6 


EXISTING FIN TUBE 
RADIATION TO . 
REMAIN - X 


B| . -■ 

I 



14”x6 



-EXISTING FIN 
TUBE RADIATION 
TO REMAIN 





NEW WORK NOTES: 

1. ALL EXPOSED DUCTWORK & RELATED 
APPURTENANCES SHALL BE PAINTED. 
FINISH SHALL BE APPROVED BY THE 
ARCHITECT. CONFIRM PRIMING AND 
PAINTING REQUIREMENTS WITH 
ARCHITECTURAL SPECIFICATIONS. 

2. CONDENSATE FROM DCUe UNITS 
SHALL RISE INTO THE ATTIC SPACE 
TO RUN HORIZONTAL. 

3. HORIZONTAL CONDENSATE RUNS 
SHALL BE PITCHED MINIMUM 
1/8”=1 ’—0”. CLEANOUTS SHALL BE 
PROVIDED AT EVERY CHANGE OF 
DIRECTION IN CONDENSATE PIPING 

4. CP-1 SHALL BE MOUNTED BELOW 
CEILING IN EACH SPACE TO REMAIN 
IN AN ACCESSIBLE LOCATION. 

5. REFRIGERANT LINES AND 
CONDENSATE PIPING FOR UNITS 
MOUNTED ON NEW WALLS SHALL 
HAVE PIPING CONCEALED TO THE 
GREATEST EXTENT POSSIBLE. PIPING 
TO EQUIPMENT MOUNTED ON 
EXISTING TO REMAIN WALLS SHALL 
BE CONCEALED BY PIPING 
ENCLOSURE, FINISH SHALL BE 
APPROVED BY ARCHITECT. 

6. PROVIDE ALL DUCT TRANSITIONS, 
FITTINGS & OFFSETS REQUIRED FOR 
EXISTING TO NEW DUCTWORK 
CONNECTIONS. TYPICAL FOR ALL NEW 
DUCTWORK CONNECTIONS AS WELL. 

7. PROVIDE DUCT CONNECTIONS FROM 
NEW GRILLE TO NEW OR EXISTING 
DUCTWORK. DUCTWORK SHALL BE 
FULL WIDTH AND HEIGHT OF GRILLE, 
MOUNTED IN ACCORDANCE WITH 
MANUFACTURER’S RECOMMENDATIONS. 

8. PROVIDE ISOLATION VALVES AT EACH 
DUCTLESS COOLING INDOOR 
EVAPORATOR (DCUe) FOR SERVICING. 
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